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— EBA5CO-ATS 
INSTAa P8#t. P8/5 & COT'S R-16-TFUP . R-17-TFUP 
INSTALL CONOUCTORS £dfida&VSSt 
FSOH P8#5 TO EBASCO PNL t HP ' 
CUT AND REMOVE CONOUfTS ANO CONDUCTORS AS SHOWN 
INSTALL PSfSA & CDrS fizd£. £=02 AS SHOWN. 
INSTALL CONOUCTORS £=16 & £=07 FROM PB#5A 
TO P8#5. 

~ DISCONNECT CONDUCTORS AT E8ASC0 PNL 

- SPUCE AND CONNECT CONDUCTORS IN PB#5A. P8#5 
AND EBASCO PANEL (ENERGIZE) ' 

— FUJI PANEL PP-81B (ITFtK irpft) 

- DEENER02E COLLECTOR UUS. 

- DISCONNECT AND REMOVE FEEDER AT EBASCO PANEL 
AND REENERGIZE COLLECTOR BUS. 

- REMOVE FDR'S, P8#3 AND P8#8 AS SHOWN. 

- INSTALL P8#5B, #5C AND CONOUfTS AS SHOWN, 

- INSTALL FDR FUJI-TEW? FROM P8#5 TO FUJI DISC SW., 

~ DEENERQZE COLLECTOR BUS ANO INSTALL FDR FUJI-TEMP 
FROM FUJI C.T. CABINET TO EBASCO PNL 

- REENERGIZE COLLECTOR BUS 

- "NSTAtL CONDUCTORS £UJJ FROM PB#58 AND PB/5C 
TO P8jf5- 

■ SPUCE ANO CONNECT CONDUCTORS IN PB#5, P8I5B. 

■ ELEVATOR PANfl. EL-B7SWS 

INSTALL P8#7 AND FLEXIBLE COT'S L-1-TFUP AS SHOWN. 
DISCONNECT FEEDER AT ATS-75EL AND EL-B75N&S 
CUT ANO REMOVE CONDUIT AND CONDUCTORS AS SHOWN. 
INSTALL FECDER L-t-TFUP FROM P8/7 TO ATS-75EL 
ANO TO P8#8. 

SPUCE AND CONNECT FEEDER IN PB|7. PB#8. ATS-75EL 
ANO IN PNL EL-B75N&S. (ENERGIZE) 

— MCC-Mf7W 

DISCONNECT FEEDER AT SWGR. "L" AND MCC-ME75L 
CUT AND REMOVE CONDUIT ANO CONDUCTORS AS SHOWN 
INSTALL FLEXIBLE COT'S AS SHOWN. 
INSTALL FEEOER L-7-TEUP. FROM MCC TO SWGR. "L\ 
SPUCE AND CONNECT FEEDER IN MCC AND AT SWGR. 
{ENERGIZE J 

— ATS-7.1FI 

DISCONNECT FEEDER AT PANEL EPC-75B AND ATS-75EL 
CUT AND REMOVE CONDUfT ANO CONDUCTORS AS SHOWN 
INSTALL FLEXIBLE COT'S AS SHOWN, 
INSTALL FEEDER B-2-TEMP. FROM ATS TO EPC-75B. 
SPRANG CONNECT FEEOER IN ATS AND AT PNL 


*= CATEGORY "A" OR "B" LOAD OUTAGE-SEE NOTE #4 
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NOTES 

I. FOR LEGEND SEE 0WC. #E-1, FOR GENERAL NOTES. ASSREVttTlOMS 
ANO UGHTWC FIXTURE SCHEDULE SEEDW^ «« <tw ™s 

2 " DWC 1 Je^ L SUBSTA ^ 0N 1 OF KS7AUATI0N SEE 

3. INTERCEPT AND REROUTE EXISTING WWNC SYSTEM TO PROVIDE SPACE 
™ NgJ WSTALLATKW. PROVIDE JUNCTION BOX AT ThTSoS OF 

SwSi'Kl JKKJJSF * R£HWrED CONDW SECTION 

AS SHOhrf AND SPUCE TO EXISTING WIRES IN JUNCTION BOXES. 

4. ALL ELECTRICAL OUTAGES SHALL BE PERFORMED OUTSIDE NORMAL 
BWL01NC OPERATING HOURS. SEE^CIFICATONS DMSKN 
EWmEO-CONDITIONS ANO f^K FORkSh 

OF ELECTRICAL POWER OUTAGE WIECORJEST 

5. FOR CONDUfT ANO CABLE SCHEDULE STAGE I SEE DWG. #£-81. 
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DIAGRAM "A* 

RELOCATION OF FDR'S R16. RI7 ft FLU 
(SEE THIS DWG. * DWG. fE-78 FOR PLANS ft SECTtWS) 
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